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1. INTRODUCTION 

The electromagnetic influence of electric-power lines on nearby metal installations (communication 
lines or different metal pipelines) has been the subject of investigations for at least the last, six decades. In 
urban areas where many different metal installations are laid at a relatively small distance from each other the 
induced voltages can endanger the safety of the public and field workers in large urban areas along and 
around these lines. Because of that the values of the induced voltages have to be within certain prescribed 
limits [1]. Besides the safety problems, induced voltages can cause corrosion on the surface of pipelines, and 
other types of metal installations typical for urban areas. In the case of pipelines, if the coating is not 
sufficiently resistant to withstand the possible stress exerted by induced voltages, it can lead to mechanical 
damage and poor functioning. Because of that the magnitude of the induced voltages should be determined in 
all, practically possible situations. Only on the basis of their correctly determined values, it is possible to 
prevent all, undesirable (dangerous and harmful) consequences by applying adequate protection measures. Of 
course, the greatest problems can be expected in the case of lines through whose phase conductors the current 
can reach the highest values during fault conditions or normal operation. In modern distribution networks, such 
lines are high voltage (HV) and extra high voltage (EHV) cable lines. 

However, the circumstance that these lines are usually laid in highly urbanized areas with a large 
number of different metal installations has also certain favorable effects. The vast majority of these 
installations are grounded at least at their ends, so induced currents occur in these installations, which also 
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create their own electromagnetic fields. These fields partially cancel the electromagnetic field generated by 
the considered cable line and thus reduce the unfavorable inductive influence on each of the surrounding 
metal installations observed individually. The currents induced in the surrounding metal installations also 
reduce the part of the ground fault current that is injected into the surrounding earth through the grounding 
system of the supplied substation. Thus, the potentials that can appear on the grounding systems of supplied 
substations are also reduced. Therefore, in order to estimate correctly the magnitude of the considered problems 
in each specific case, it is necessary to have a methodology that allows taking into account the effects of each of the 
currents that are induced in the surrounding metal installations. By using relatively simple calculation procedures 
presented in the corresponding technical standards this is the most frequently not possible to do [2], [3]. 

Many so-far-published papers propose different methods developed with the aim to enable taking 
into account as many possible factors and parameters relevant to different situations that can be encountered 
in practice e.g. [4]-[12]. The possibilities of the methods developed in the past for determining the currents 
and voltages induced in the exposed metal installations are separately considered and valuated in [4]. 
Recently developed methods are based on computer software to achieve as accurate a possible simulation of 
the considered phenomenon in very complex practically possible situations. For example, the methods 
presented in [11] and [12] enable taking into account a large number of different pipelines, power lines, 
bonds, groundings, and coating. The common characteristic of these methods is that they enable taking into 
consideration the constructive characteristics and mutual space position of all installations in the arrangement, as 
well as the characteristic of the surrounding earth as a conductive medium. However, none of them enables a 
solution when the problem appears in urban areas, i.e. there, where many relevant data concerning the surrounding 
metal installations are uncertain or completely unknown. 

The considered problem in urban conditions has become solvable by developing the methodology 
presented in [13]. The solution was achieved on the basis of experimental investigations and an analytical 
procedure that enables substituting all surrounding metal installations, from the standpoint of their inductive 
influence, with only one equivalent conductor. The physical appearance and spatial position of this fictitious 
conductor are such that it represents a cylinder surrounding all conductors of one HV or EHV line along the 
entire length of this line. The results of the mentioned investigations show that the fraction of the ground-fault 
current flowing solely through the earth, in a typical urban environment, is three to five times smaller than it has 
been considered before. Certainly, this fact throws completely new light on the whole grounding problem of HV 
distribution substations supplied by cable lines and dramatically changes our earlier perception of its magnitude. 

Somewhat later the method presented in [13] was improved in such a manner that the mentioned 
equivalent conductor besides all surrounding metal installations substitutes also all metal shields of the 
considered line [13]-[17]. It has been imagined as a cylinder that surrounds only the phase conductor with a 
simulated (or actual) ground-fault current. As well as in the previous case, this conductor is completely 
defined by only two parameters. One of them is the radius of this fictitious conductor, whereas the other one 
is its longitudinal resistance. However, the methodology developed in [13]-[17] was not applicable in the 
case of HV cable lines with applied cross-bonding, required for all HV and EHV distribution cable lines [18]. 
In that case, the cable line metal shields are mutually cross-bonded at certain places along the line so that the 
problem of ground-fault current distribution becomes so complex that cannot be solved without the 
application of a computer even if we disregard all surrounding metal installations [19]. The considered 
problem, in this, in practice the most common and the most complex case, becomes solvable by introducing an 
additional phase conductor in the foreseen measurement procedure as shown in [20]-[22]. However, the imagined 
equivalent shields have spatial positions (radius) changed in comparison to the positions (radius) of actual shields 
of HV and EHV cable lines. This fact creates certain confusion in the application of the methodology for solving 
different problems of the inductive influence of HV and EHV distribution cable lines and that is the problem that 
should be overcome. 

In this paper methodology for compensation for the deficiency of many relevant but unknown data 
(or Popovic's methodology) [13]-[17] and [20]-[22] has been improved in such a way that enables taking 
into account the inductive influence of all surrounding metal installations only through the changed value of 
longitudinal resistance of actual cable line shields. When we obtained this value for one and all three metal 
shields of a certain cable line we can determine the actual reduction factor, actual inductive influence, 
and actual sequences (ground fault current) in this line by using a standard or well-known calculation 
procedure, e.g. [2], [3], [23]. 


2. METHODOLOGY 
2.1. Main ground fault current fractions 

In urban and suburban areas power distribution cable lines share the same streets with many 
different metal installations typical for urban surroundings so mutual electromagnetic interaction between 
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them is practically unavoidable. Due to this, the surrounding metal installations spontaneously acquire the 
function of additional neutral conductors of these power lines, and they together with conductors of these 
lines form one very complex electrical circuit. For a better understanding of the participation of the 
surrounding metal installations in one such circuit formed during a ground fault in a supplied HV substation, 
the main fractions of a ground-fault current can be presented as shown in Figure 1. 

The grounding systems of HV/MV distribution substations consist of the substation grounding 
electrode and many outgoing MV (medium voltage) cable lines acting as external grounding electrodes, 
and/or conductive connections with the grounding systems of the supplied MV/LV substations. In this way, 
the metal shields of the outgoing MV cable lines spontaneously obtain a rule of conductive connections with 
the metal installations surrounding the feeding line of these substations [24]. Based on Figure 1, it is not 
difficult to notice that in the case of a ground fault in the supplied substation, two ground-fault current 
fractions appear outside of the power system. One of them, current Ke, is dissipated into the surrounding earth 
through the grounding system of substation B, while the other, current Imi is induced in the surrounding metal 
installations that are not foreseen for this purpose. Therefore, it can be said that all public safety and certainty 
problems are caused by these two currents. Because of that, their values should be determined in each 
specific case of an HV or EHV cable line. Only when we know their values we can determine the voltage 
that can be induced in some of the surrounding installations as well as the potential that can appear on the 
grounding system of the supplied substation, that is, on the metal installations coming out of this substation. 


4— k 


Figure 1. A ground-fault current and its main parts [15] 


The notation used has the following meaning: 
- A (B): Supply (supplied) substation; 
- F: Ground fault location (supplied substation); 
- Ip: A ground-fault current component coming from substation A; 
- Iw A ground-fault current fraction circulating through the line neutral conductors; 
- Imi: A ground-fault current fraction induced in the metal installations surrounding the feeding line; 
- Ie A ground-fault current fraction dissipated through the grounding system of substation B into the 
surrounding earth. 

Since the mutual separation of currents, /mi and J. occur along many external grounding electrodes 
(metal shields of outgoing MV cable lines) and under the surface of the ground, none of these currents can be 
determined by calculations or by measurements [24]. Also, many of the metal installations surrounding a 
feeding line are grounded at both ends and each of them, with the earth as the common return path, forms one 
closed electrical circuit. Therefore current Imi has been divided into many smaller fractions that differently 
affect the value of the potential induced at the opposite end of some surrounding metal installation that is in 
the moment of a ground fault grounded at only one end. 

Besides, it is necessary to say, an unbalanced current existing under normal operating conditions 
also uses the same return paths as the ground fault current. Although it is, of course, significantly smaller 
than the ground-fault current its flow is long-lasting, and because of that its influence can also be harmful and 
disturbing for sensitive electronic systems embedded in this network by upsetting data transmission. Thus for 
the correct solving of the mentioned problems, it is necessary to analyze a completely formed electrical 
circuit with all its, known and unknown, elements. 


2.2. All induced currents 
With the aim to obtain a complete equivalent circuit let us assume an HV or EHV cable line with no 


applied cross-bonding and in the most general case, from the standpoint of their spatial formation, as is 
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shown in Figure 2.The used notation has the following meaning: i) d — the distance between two adjacent 
cables, and ii) rs, — mean radius of the cable shield. Then assuming an arbitrary number of the surrounding 
metal installations the complete electrical circuit formed by the adopted cable line, during a simulated ground 
fault in supplied substation B, can be presented as shown in Figure 3. 


2.9 


Figure 2. Single-core cables laid in a flat formation 
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Figure 3. Complete equivalent circuit [20] 


The used notation has the following meaning: 

- A (B): Supply (supplied) substation; 

- Uax Auxiliary voltage source; 

- Uno, Un, Um, ..., Un: Voltages induced in an arbitrary (nth) metal installation by the current in each of 
the surrounding electrical conductors/circuits; 

- Ie Simulated ground-fault current through one of the phase conductors of the considered line; 

- di: Current induced in the shield of the single-core cable carrying test current In; 

- 1), is: Currents induced in the shields of the other two single-core cables; 

- 14, Is, In, ..., In: Currents induced in the individual surrounding metal installations; 

- Zo: Self-impedance of the applied phase conductor of the considered cable line; 

- Zs: Self-impedances of the cable shields; 

- Z4, Zs, Zo, ..., ZN: Self-impedances of the individual surrounding metal installations; 

- N: An arbitrarily large number of currents induced in surrounding metal installations and the shields of 
the considered cable line: 
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- N+1: An arbitrary metal installation grounded at only one end; and 
- Ui: Voltage/potential induced in (N + 1)-th installation. 

As can be seen, the presented equivalent circuit is composed of the self-and mutual impedances of 
all surrounding metal installations and all shields of the adopted cable line including the phase conductor 
carrying current /,. The self-impedance of an arbitrary, n, surrounding the metal installation of a cylindrical 
shape can be, according to e.g. [2], determined by (1), 


Zn = Ry + 0 + jo, In, O/km, (1) 


where as in the case of the installation with a full metal cross-section, is: 


Zn = Ry + wy + jo, 2 + In), O/km (2) 
The mutual impedance between two arbitrary, n® and m', surrounding metal installations is, 
according to e.g. [2], determined by (3). 
, f 6 
Zom = Ut a + jo; = In = , Q/km; m#n (3) 


Where: 
- R',: Longitudinal resistance of an arbitrary, n™, surrounding metal installation (Q/km); 
- rW Mean radius of an arbitrary, nh, surrounding metal installation (m); 
- dw: The distance between two arbitrary, n® and m®, surrounding metal installations (m); 
- œv Angular test frequency: 27f ; 
- jo: Magnetic permeability of vacuum: 47:107 Vs/Am; 
- br Relative magnetic permeability of the metal installation; 
- 6 Equivalent earth penetration depth (m). 
The equivalent earth penetration depth is determined by (4). 


5, = 658 E mi (4) 


Where: 
P: Equivalent soil resistivity along and around the considered cable line (Qm); and 
fe Test circuit frequency (somewhat higher than power frequency [13]). 
Current in an arbitrary surrounding installation, J, (Figure 3), induces in an also arbitrary (m™) surrounding 
installation a voltage, Umn, which is determined by (5). 


Umn = —Znmn m +n (5) 


Where Z'wm: mutual impedance between the m and n™ surrounding metal installation. 

Although complete, from the standpoint of the number of elements, the presented equivalent circuit 
is not without any idealization and approximation in relation to the electrical circuit formed in reality. For 
example, the fact, that some of the metal installations are grounded at certain places, mainly in each of the 
buildings arranged along both sides of streets, has been disregarded. However, according to the 
considerations presented in [20]-[22], this fact is not relevant for determining the currents induced in these 
installations. For the same reason, the capacitive effects of an HV or EHV line are not relevant for 
determining these currents [21]. 

Also, in urban conditions, the surrounding metal installations usually are not laid strictly in parallel 
with an HV or EHV cable line and mutually along its whole length. However, unlike other known 
methodologies for determining the inductive influence of power lines, their mutual spatial positions are not 
necessary for the application of the methodology presented in [20], [22]. Accordingly, this methodology is 
applied in the same way to cable lines with applied cross-bonding as to lines where this technique is not 
applied. All this can be concluded based on the considerations presented in [21], [24]. 

Finally, the value of the equivalent soil resistivity, p, in urban areas can be only approximately 
estimated based on the main geological characteristics of the soil surrounding the considered cable line [19]. 
However, according to (1), (2), and (3), this approximation has not any notable influence on the accuracy of 
(1), (2), and (3) because impedances Z', and Z'nm are only slightly dependent on the soil resistivity, p. 
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Based on the circuit in Figure 3 it is obvious that the current /; and all induced currents contain a 
cumulative effect of the inductive couplings with all other spontaneously formed electrical circuits. This fact 
enables us to solve the problem of the deficiency of many relevant data only by measuring the test current 
and current induced in the shield with the test current, Jı (Figure 3) [13], [16]. However, somewhat later was 
shown that it is better from the standpoint of the applicability and accuracy of this methodology to use one 
more phase conductor instead of the mentioned shield [20]-[22]. For that purpose, this additional phase 
conductor has to serve as one more neutral conductor and has been named an “additional phase conductor”. 


2.3. Necessary measurements 

By introducing an additional phase conductor the necessary measurements in the case of the cable 
line with applied cross-bonding are performed, according to [20]-[22], by using the measurement circuit 
shown in Figure 4. 


Figure 4. The principal measurement circuit [20] 


The used notation has the following meaning: 
- U,: Auxiliary voltage source; 
- I: Test (simulated ground fault) current; 
- Hi: Current induced in the additional phase conductor; 
- Ke: Current injected into the earth through the grounding system of substation B; 
- Ib, b and J4: Currents induced in the individual cable line shields; 
- A: Ampere-meter. 

In accordance with the considerations given in [20], and [22] a slightly higher accuracy of the 
methodology is achieved when there is a stronger inductive coupling between the used phase conductors. 
Because of that the phase conductor that is closer to the phase conductor with simulated ground-fault current 
is used as an additional phase conductor. 


2.4. Relevant parameters of the equivalent shield 

By using the mentioned equivalent conductor (in the further text: equivalent shield) substituting all 
surrounding metal installations including three shields of the considered line, the equivalent circuit of this 
line during the simulated ground fault becomes significantly simpler as shown in Figure 5. As can be seen, in 
this circuit the grounding impedances at the ends of the line are disregarded (Z4 ~ Zg ~ 0), since they are 
relatively small in urban conditions, e.g. [25], [26]. In that way, we take into consideration only the mutual 
inductive coupling between the phase conductor with test current J; on one side and each of the surrounding 
metal installations including the shields of the considered line on the other side at determining required 
quantities: 7, and U; (Figure 3). As is well known, current Fe is relevant for potentially hazardous and harmful 
potentials and potential differences that appear on the grounding system of the supplied substation, whereas 
voltage U; is relevant for hazardous and harmful voltage that can be induced in an arbitrary (N + 1)-th 
installation. The used notation has the following meaning: 

- Ujo(U eq): Voltage that current /, (A) induces in the additional phase conductor with 71; 
- Uego (Ueqi): Voltages that current J; (Z1) induces in the equivalent shield; 

- Hy: Current induced in the equivalent shield; 

- Zp: Self-impedance of the phase conductor (Q); 

- Zeg: Self-impedance of the introduced equivalent shield (Q). 

Based on the equivalent circuits in Figure 3 and 5 it is obvious that the arbitrarily large number (N) 
of unknown currents through all of the surrounding metal installations including shields of the considered 
line are reduced to only one current, Ji. Also, numerous known and unknown surrounding metal installations 
including shields of the considered line are substituted by only one equivalent shield. The relevant parameters 
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of this equivalent shield can be determined by using the following condition: currents J,, J1, and Ke in Figures 3 
and 5 have to remain unchanged after introducing the equivalent shield. According to the equivalent circuit in 
Figure 5, this condition can be expressed by the following system of equations: 


Zorlt + Zonda + Zieqli = 0 
Zoeqlt + Zieqh T Zeqli =0 (6) 


where: 
Z'eq: Self-impedance of the equivalent shield (Q/km); 
Z'veq: Mutual impedance between the equivalent shield and the phase conductor with current = (Q/km); 
Z'\eq: Mutual impedance between the equivalent shield and the additional phase conductor (Q/km). 
Impedances Z’pn and Z’ are, according to [1], determined by: 
' ' Ho , «. Ho pkr ôt 

n = Rpr + Ot 3 +jwt 2 G P Q/km, (7) 


Zp 


Zo, = w+ jo, In, O/km, (8) 


where 

R'pn— longitudinal resistance of the phase conductor, (Q/km), 
rpn— radius of the phase conductor (m), 

Œ — angular test circuit frequency: 27f, 

Ur — relative magnetic permeability of the phase conductor, 

d — the distance between two adjacent single-core cables (m). 

Based on the system of equations (6), it is interesting to note that the relative ratio between the 
currents A, J, and Ji, does not depend on the voltages induced in the phase conductor with current /,. It means 
that the voltages Ui. and Uteq from the equivalent circuit in Figure 5 are not relevant in solving the considered 
problem and can be omitted from this circuit. On the basis of the considerations presented in [21], [24], the 
equivalent shield can be determined for any arbitrarily adopted value of its radius, reg. According to that, the 
considered cable line and all surrounding metal installations during a simulated ground fault can be presented 
by a relatively simple and known cable model whose cross-section is shown in Figure 6. 


A Zh Boi Voeg B 
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l 
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J 
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Equivalent shield 


Figure 5. Simplified equivalent circuit [21] Figure 6. Cross-section of the introduced cable model [19] 


The additional phase conductor in this figure is denoted differently (lighter shaded) to show that for 
the necessary measurements, it serves as one more neutral conductor. Since the considered cable line can be 
considered as a single-core cable (Figure 6), the analytical expressions for impedance Z'eq, Z’oeq, and Z’teq are 
known in advance and, according to [2], determined by (9). 


' ' H . H ô 
Zeq = Req t Ot A + jar nit F, Q/km, (9) 


Effective metal shields of high voltage distribution cable lines (Ljubivoj. M. Popovic) 


458 m) ISSN: 2252-8792 


Zoeq = Zreq = 0+ jo, In = O/km, (10) 
Where: 
- R'-q: Longitudinal resistance of the equivalent shield (Q/km); and 
- Teg} Mean radius of the imagined cylinder representing the equivalent shield (m). 

Also, since currents J; and J; are obtained by measurements, they can be considered as in advance 
known quantities, and the system of (6) can be presented in the following manner: 


T T A T 
ZoeqZ1eq~4eq401 _ l (11) 
ai ey AT 

ZeqZph-Z" teq It 


Then, since (11) gives the relationship between complex quantities, it can be presented in one more form: 


Re: {(ZoeqZieq ~ ZeqZor he} = Re {(ZeqgZpn- Z ieg) h} 
Im {(ZoeqZieq — ZeqZoi)le} me A (Zaa Zeg) h) (12) 


where Re and Im are the denotations for the real and imaginary parts of (11). 

In the system of (12), the only unknown quantities, according to (7), (8), (9), and (10), are R'eg and 
req. Thus by solving this system of equations, we obtain the values of the required parameters of the 
equivalent shield, R's, and reg. Then, for obtaining the actual reduction factor [14] (or resulting screening 
factor [3]) of the considered cable line we can use the analytical expression for this factor when a cable line 
has been performed with only one single-core cable. Or, in accordance with e. g. [24], we can write (13). 


R'eq 
% =k, = (13) 
i Ho, ,@Ho,, 6 
R'eqt@ 3 +j ai Mra 


Based on (13) unknown induced voltage/potential U; can be determined by (14). 


U; = —k,Zinsryolf 


(14) 
Whereas voltage/potential on the grounding system of the supplied substation is (15). 
Ugs = eZ ply (15) 


Where /; is anticipated actual ground fault current in substation B. Here it should be mentioned that these two 
voltages can be superposed in some of the installations outgoing from the supplied substation. 

Based on approximations Za ~ Zg ~ 0, each current appearing in the additional phase conductor 
(Figure 4) or in any other of the surrounding installations/conductors is a consequence solely of the mutual 
inductive couplings of each of them with all other of them (Figure 3). However, currents (, and J; are 
determined by measurements i.e. by taking into account the actual values of grounding impedances Za and 
Zg. This certainly compensates to some extent the inaccuracy caused by the formerly mentioned 
approximations. 

Also, the value of equivalent soil resistivity, necessary for the application of this methodology, 
should be adopted as the lowest one, among several ones approximately estimated based on the main 
geological characteristics of the surrounding urban area. Certainly, in this way, the favorable inductive 
influence of the surrounding metal installations becomes slightly lower. 

Since the spatial positions of the individual single-core cables in relation to the surrounding metal 
installations are not identical, the presented procedure should be applied to each of the phase conductors of 
the considered line. Then, for enlarged safety, we should adopt those parameters (R'eq and req) that correspond 
to the smallest inductive influence of the surrounding metal installations. 

However, certain confusion in the application of the parameters of the equivalent sheath, R'eq, and 
req, represents the fact that the mean radius req of the equivalent cable shields is larger than the actual ones 
(Figure 2). So, in the calculations where it is necessary to replace one equivalent shield with 3 equivalent 
shields, they would partially overlap if the single-core cables of the considered line are in the triangular 
formation. 
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3. IMPROVEMENT OF THE METHODOLOGY BY INTRODUCING EFFECTIVE SHIELDS 
3.1. Effective shield for determining actual reduction and resulting screening factor 

On the basis of the considerations given in [15], [19], each of the cable line shields and each of the 
surrounding metal installations grounded at both ends can be considered as one short-circuited ”secondary 
turn” of one spontaneously formed and specific transformer of huge dimensions. By introducing an 
equivalent shield such as a specific transformer, in fact, an HV or EHV cable line and surrounding metal 
installations during a simulated ground fault (Figure 3), can be presented, according to [21], [24], as shown in 
Figure 7. The used notation has the meaning: F, is resultant alternating magnetic flux through the ”primary 
and secondary turn”. 

On the basis of Figure 7, it is not difficult to see that for the certain value of A, resultant flux F, 
depends only on the spatial position of the introduced equivalent shield (equivalent secondary turn”) in 
relation to the phase conductor (primary turn”), defined by req (mean radius of equivalent shield), and 
current through the introduced equivalent shield, Ji. According to this an arbitrarily large number of the 
mutually different shields (different combinations of parameters req and R'eq), seen separately, can create the 
same value of resulting flux F;. This means that for any in-advance adopted value of reg, we can determine 
corresponding R'eq also satisfying the required condition that the resulting flux and current I remains 
unchanged. Thus by assuming that the spatial position of the equivalent shield is such that coincides with the 
actual shield of the single-core cable with test current, Z, instead of parameters req and R'eg, we have only 
parameter R'eq(req = rsh). At this, for obtaining the corresponding value of R'eq, one uses expression (13). 


B Equivalent shield 


Figure 7. Simplified cable line model [21] 


According to this, the favorable inductive influence of all surrounding metal installations including 
the shields of the other two single-core cables can be expressed only through the corresponding value of the 
longitudinal resistance of the shield of the single-core cable with test current. With the aim to make the 
difference in relation to all other also equivalent shields of a certain phase conductor of the considered cable 
line this equivalent shield, we will call the effective shield. It can be defined as a cable shield that instead of 
the real one has an effective (computational) longitudinal resistance through whose value the inductive 
influences of all surrounding metal installations including the other two shields of the considered line are 
taken into account. 

Based on Figures 3, 4, and 7, it is obvious that by introducing the equivalent or effective shields the 
line with applied cross-bonding is reduced from the point of view of further calculations to a simpler case of 
lines at which this technique has been not applied. Thus, in the case when we have to determine the inductive 
influence of a certain cable line during faulty conditions we reduce the problem to the simplest case where 
we have in the whole surroundings only one single-core cable and only one induced installation. Also, when 
we have to determine the inductive influence of a certain cable line in normal operation by determining the 
effective shield for all three single-core cables we reduce the whole problem to the simplest case where we 
have three inducing single-corer cables and only one induced installation. So in both cases, further 
calculations can be performed by using the standard calculation procedure [3]. Also, the known effective 
shield allows us to solve a problem that can appear by laying one or more new surrounding installations 
whose relevant data are known. It can be done by a well-known calculation procedure used to obtain one 
equivalent neutral conductor substituting two or more neutral conductors of a certain line. 

Finally, based on the previous considerations, it is not difficult to see that it is possible to determine 
the corresponding effective shields for determining the inductive influence on any of the surrounding metal 
installations (Figure 3) during faulty and normal operating conditions. Although they refer to the same 
inducing cable line they are different for each of these installations. When they are determined the further 
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calculation procedure is reduced in all cases to the simplest case solvable by using the corresponding 
technical standard, [3]. 


3.2. Effective shields for determining the actual sequence impedances 

Surrounding metal installations due to their inductive influence increases the value of the total 
ground fault current in the supplied substation, Ir, and because of that they should not be disregarded [16], 
[20], [24]. However, the previously defined effective shield is not adequate for obtaining the sequence 
impedances of the considered line. Namely, its use the influence of the surrounding metal installations on the 
magnitude of the ground fault current would be taken into account three times. Thus for this purpose, it is 
necessary to convert the previously determined effective shield into three equivalent shields, one for each of 
the 3 single-core cables. The relevant parameters of the three equivalent sheaths for cables laid in the 
triangular formation are, according to e.g. [24], determined by: 


R' eqs and foq, = 1/V4rz) (16) 


Then, using (13) we can from R'eq and req determine the effective longitudinal resistance for all 3 single-core 
cables, R'eq3. 

When parameter R’err3 is determined the influence of all surrounding metal installations is involved 
through all three shields of the considered cable line. Then its sequential impedances are obtained by 
applying a well-known calculation procedure that refers to the case when there are only conductors of the 
considered line in the entire environment [23]. It is only necessary to replace the real parameter R'sn with the 
parameter R'etr3. For this type of calculation, the values of R'eq and req should be adopted so that they refer to 
the case of the single-core cable with the greatest inductive influence of the surrounding metal installations. 
In this way, it is achieved that the obtained value of the ground-fault current in the supplied substation is 
slightly greater than the actual one. 


4. RESULTS AND DISCUSSION 

With the aim of obtaining an insight into the possible magnitudes of the value of the longitudinal 
resistance of an effective shield, we will use the results of the experimental investigations performed in the 
110 kV distribution network of Beograd [13]. For these investigations has been used a cable line with single- 
core cables laid in a trefoil formation along the whole length and with no applied cross-bonding technique. 
Their metal shields are made of copper strings having a total cross-section of 95 mm?, and the mean diameter 
is equal to 91 mm. It supplies substation B from source substation A via transit substation C. 

According to the results of the mentioned investigations, the relevant parameters of the equivalent 
shield substituting only surrounding metal installations are the following: 
- For the entire feeding line: R’., = 0.053 Q/km and reg = 8.1m, 
- For the section from substation A to substation C: R’eg = 0.08 Q/km and reg = 12.3 m, 
- For the section from substation C to substation B: R’eg = 0.031 Q/km and reg = 7.1 m. 

Based on these results and the relevant data about the equivalent shield substituting all three cable 
shields (obtained by relations: R ’eq3sn=0.333 R ’sn and Feg3sh=1.587 rsn) and by using the calculation procedure 
presented in [19], the resulting screening factors have the following values: 


kag = - 0.026 - 30.023; kac = - 0.018 - j0.012 and kcg = - 0.031 - j0.037. 


Based on these results and (13) one obtains that the corresponding longitudinal resistances of the effective 
shields for the considered line and its sections are the following: 


R'ettas(Teq = 0.0455m) = (0.01324 - j0.01726) Q/km, 
R’ettac(Yeq = 0.0455m) = (0.02191 - j0.02128), Q/km, and 
R’ettca(Teq = 0.0455m) = (0.00659 - j0.01138), Q/km. 


Since the single-core cables of the considered line are laid in the trefoil formation i.e. on the 
minimal mutual distances these values can be considered relevant with a small approximation for each of the 
three single-core cables. By using these values we can determine the inductive influence of this line and its 
sections during normal operation conditions by superposing the voltages or currents induced by the current in 
each of the phase conductors e.g. [3]. This way of calculations, because of the unchanged positions of cable 
shields, certainly, enables a better understanding of the methodology in comparison with its earlier version 
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[20]. Of course, the described calculation procedure can also be used in cases when there are several 
inducting cable lines in the same urban environment. 

As can be seen, the longitudinal resistance of an effective shield has a complex value and as such, of 
course, does not exist in reality. However, by introducing such value of a longitudinal resistance into the 
presented analytical procedure, the problem of the inductive influence of currents in the phase conductors of 
one or more cable lines with applied cross-bonding is reduced, from the standpoint of necessary calculations 
to the simplest case. That is the case when in the whole environment, in addition to the inducing cable line 
(or lines) transformed into the line with no applied cross-bonding there is only one induced installation. 

When we have to determine the sequence impedances of a cable line with no applied cross-bonding 
[16] by using the effective cable shields, then all three cable line shields seen together, that is as a whole have 
to encompass the inductive influence of surrounding metal installations. Thus in that case the equivalent 
shield substituting all surrounding metal installations should be transformed into three equivalent shields 
whose parameters are determined by (16). Then by using the previous calculation procedure, we obtain three 
effective shields of the considered cable line, and its sections are determined by the following longitudinal 
resistance: 


R'eff3AB(Feq = 0.0455m) = (0.0987 - j0.0468) Q/km, 
R’ett3ac(Teq = 0.0455m) = (0.1208 - j0.0455), Q/km, and 
R’ete3xcs(Yeq = 0.0455m) = (0.0681 - 0.0375), Q/km, seen respectively. 


By using the effective shields in this case the considered problem is also reduced to the simplest case when in 
the whole environment only this 110 kV line exists (e.g. [23]). 

Concerning the whole methodology [13]-[17], [20]-[22] it is important to note the following: 
Between an unlimited number of different equivalent shields that can be obtained using (13), only one 
obtained by (12) has a value of the longitudinal resistance that is expressed by a real number i.e. that 
corresponds to this physical property of electrical conductors. 


5. CONCLUSION 

The paper presents a certain improvement of the methodology that enables taking into consideration 
the inductive influence of all metal installations surrounding HV or EHV cable lines only through the value 
of the longitudinal resistance of the here-defined effective cable shield. By using effective shields the spatial 
position and appearance of single-core cables belonging to the considered line are identical to the appearance 
of actual ones. Thanks to this when we determined the effective shields the determination of the actual 
reduction factor, inductive influence, and sequence impedances of any cable line passing through urban 
and/or suburban areas reduce to the simplest cases solvable by standard and well-known calculation 
procedures. 
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